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cable tap 
(Typical). 


I #4/0 TO BUILDING 
GROUND RISER 


SEE RISER DWG E-16 
ft DWG £-14 FOR 
CONTINUATION. 

EXIST. PANELBOARO 
TO REMAIN 


EXISTING 120/208V 

Bus** to remain 


2000A COPPER 
BUSWAY. SEE 
GEN. NOTE ft, 
DWG £-1. 


SRUCTURAL 
TRUSS 


DISCONNECT * REMOVE EXISTING 

BRDJJERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE. THIS 
DWG). TURN OVER PLUG IN FUSED 
SWITCHES TO THE PORT AUTHORITY, 


SPECIAL OFFSET 
-CABLE TAP 
BOX IN HUNG 
CERJNC AREA 


84th FLOOR PLAN 


SEE RISER DWG E-16 
ft DWG E-14 FOR 
CONTINUATION. - 


EXISTING UGHT 
FIXTURE TO 
REUMN(TYP) 


W— STRUCTURAL 
TRUSS 


65 lh FLOOR PLAN 



EXISTING BUSWAY 
TO REMAIN 


TRANSITION BOX. 


TO EXIST LIGHTING PANEL 

2000A COPPER BUSWAY. SEE 
GEN. NOTE #7. DWG E-1. 

SEE GENERAL N0T£#8, 
DWG E-1. 


CEIUNG 
CONSTRUCTION 


SHEETROCK 

EXISTING 
DOOR 


1600A. 480/277V 
ALUMINUM. PAIRED PHASE 
BUSWAY TO MATCH EXISTING 
FEDERAL PACIFIC BUSWAY. 


REMOVE EXISTING PLUG IN 
BUSWAY SWITCHES FROM 
EXISTING BUSWAY ft 
RE-INSTALL AFTER 
INSTALLATION Of REPLACEMENT 
BUSWAY. RkJHACE EXISTING 
PANEL FEEDERS AS REQ'D 


REMOVE EXISTING 1600A ALUMINUM BUSWAY. 
SEE GENERAL NOTE #13 ft 14 DWG E-1. 


BUSWAY 8 WITCH REPLAC 


# 

EXIST. SW. 

EXIST. FUSE 

*tm 

NEW WEAKER 

NEW 

NEW 

COT 


JSS-1 

200A 

125A 

229AF/12SAT 

4|1 CU 

1 w 


S6S-1 

200A 

123A 

223AF/12SAT 

4#1 CU 

iVr 


55S-1 

200A 

12SA 

225AF/12SAT 

4f1 CU 

i 1 /r 
























EXISTING BUSWAY 
TO REMAIN (TYP) 


84th FLOOR SECTION A-A 
& PART RISER 


EXISTING 1600A 
BUSWAY TO 
REMAIN. 



RECONNECT TO EXIST 
CIRCUIT BREAKER 

TIE INTO EXIST PANEL. SEE 
SCHEDULE ON THIS DRAWING 

EXISTING 120/208V 
BUSWAY TO REMAIN. 

200GA COPPER 
BUSWAY. SEE 
GEN. NOTE #7. 
DWG E-1. 
NEW CONDUIT 
ft CONDUCTOR TO 
MATCH EXIST. 

SPICE BOX 

CUT ft REMOVE 
EXISTING CONDUIT 
REPOSITION EXISTING 
CONDUITS TO REMAIN. 
TO ALLOW FOR THE 
INSTALLATION OF 
BUSWAY 

ROUTE BUSWAY 
THRU STRUCTURAL 
TRUSS 


REMOVE 1 EXIST PLUG-IN 
DISC. SWfTCH ft RE-INSTALL 
AFTER COMPLETION OF ELEC. 
CLOSET WORK. 

UTILIZE EXISTING - 
BUSWAY FLOOR 

SUPPORTS. 


DISCONNECT ft REMOVE EXISTING 
PLUG IN FUSED SWITCHES AND 
REPLACE WITH PLUG tN CIRCUIT 
BREAKERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE. THIS 
DWG). TURN OVER PLUG IN FUSED 
SWITCHES TO THE PORT AUTHORITY. 


SPECIAL OFFSET 
CABLE TAP 
BOX IN HUNG 
CEIUNG AREA 



REPOSITION EXISTING 

CONDUITS TO REMAIN CEIUNG 
TO ALLOW FOR THE CONSTR 
INSTALLATION OF 
BUSWAY 


SHEETROCK 

EXISTING — 
DOOR 


TRANSITION BOX- 


1600A, 480/277V 

ALUMINUM. PAIREO PHASE 
BUSWAY TO MATCH EXISTING 
FEDERAL PACtFK BUSWAY. 



HOLLOW BUSWAY 
ENCLOSURE TO ATTACH 
TO EXISTING BUSWAY 
STRUCTURAL SUPPORT. 
CAP EXISTING BUSWAY. 

67th. FLOOR 


CAP BUSWAY 


TO EXISTING LIGHTING PANEL. 


2000A COPPER BUSWAY. SEE 
GEN. NOTE #7. DWG E-1 


_66th. FLOOR 


DISCONNECT ft REMOVE EXISTING 
PLUG IN FUSED SWITCHES AND 
REPLACE WITH PLUG IN CIRCUIT 
BREAKERS. (SEE BUSWAY SWITCH 
REPLACEMENT SCHEDULE. THIS 
DWG). TURN OVER PLUG IN FUSED 
SWITCHES TO THE PORT AUTHORITY. 


TO EXISTING LIGHTING PANEL 

2000A COPPER BUSWAY. SEE 
GEN. NOTE #7. DWG E-1. 


r 


SHAFT -ft 

elec. a. 

AREAS —j 


QtiL WORLD 

TRADE 


t 


TWO WORLD 
trade 


65th FLOOR 


r 


SEE GENERAL NOTE #9 ft 
#10. DWG E-1. 


REMOVE 1 EXISTING PLUG-IN SWITCH 
FROM EXISTING BUSWAY ft REINSTALL 
AFTER INSTALLATION OF REPLACEMENT 
8USWAYS. REPLACE EXISTING PANEL 
FEEDERS AS REQUIRED. 

REMOVE EXISTING 1600A ALUMINUM BUSWAY. 
SEE GENERAL NOTE #13 * 14 DWG E-1. 

EXIST 1600A BUSWAY 
TO REMAIN (TYP) 

64th FLOOR 


WORK AREA KEY PIMi 


65th FLOOR SECTION A-A 
& PART 


52 oi 41 




EDWARDS and ZUCK, P.C< 

CONSULTING EMGtMEEJtS 
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3/IS/D1 


Dnwiag? of Record 


No. Dote ftnWan 


£3& 

nun 


Upjg r 



TO* 

LOW VOLTAGE WSTWBUT10II 

ONE WTC 

ELECTRICAL 
WTH t S4TH FLOOR 

SOUTH 8»E 
ELECTRIC CLOSET PART PLAN 


Thi> drawing subject to condXiono in contract 
Al invwntiona, Mm d ob i gn o and mothodo 
horoin or* roMfvod to Part Authority and 
may not bo uotd without iff written conaant. 

CJ/CAPP MW/CAOD FA 
Doaignod by Drown by Ghosted by 


OoU 10/4/93 Scott 1/4-.V-C 

Contract tkentm Orowino, Numbor 

WTC-804.041 E-15 


